5-4-CONDUJT. 
4J500KCMIL. & 


CABLE TAP 
(TYPICAL). 


l#4/0 TO BUILDING 
GROUND RISER 



SEE RISER OWC E-16 
ft DWG E-14 FOR 
CONTINUATION. 

EXIST. PANELBOARO 
TO REMAIN 


EXISTING 120/208V 
BUSWAY TO REMAIN 


2O00A COPPER 
BUSWAY. SEE 
GEN. NOTE #7. 
DWG E-1. 


SRUCTURAL 
TRUSS 


DISCONNECT * REMOVE EXISTING 

BREAKERS- (SEE 8USWAY SWITCH 
REPLACEMENT SCHEDULE, THIS 
DWG). TURN OVER PLUG IN FUSED 
SWITCHES TO THE PORT AUTHORITY, 


SPECIAL OFFSET 
-CABLE TAP 
BOX IN HUNG 
CEHJNG AREA 


84th FLOOR PLAN 


i 

® 


SEE RISER DWG E-16 
* DWG E-14 FOR 
CONTINUATION.- 


1#4/0 TO BUJLOtNG 
GROUND RISER 


5-4"C0H0UCT. 
4#500KCMtL. ft 
1|4/0 GND 


CABLE TAP 
BOX. 


EXISTING LIGHT- 
FIXTURE TO 
REMA)N(TYP} 


L A 

tf— STRUCTURAL 

TRUSS 


65th FLOOR PLAN 



EXISTING BUSWAY 
TO REMAIN 


TRANSITION OOX. 


TO EXIST LIGHTING PANEL. 
20OQA COPPER BUSWAY. SEE 


CEIUNG 
CONSTRUCTION 


SHEETROCK 

EXISTING 
DOOR 


1600A. 480/277V 
ALUMINUM. PAIRED PHASE 
BUSWAY TO MATCH EXISTING 
FEDERAL PACIFIC BUSWAY. 


GEN. NOTE 57. DWG E-1. 

SEE GENERAL N0TE#9. 
DWG E-1. 


REMOVE EXISTING PLUG IN 
BUSWAY SWITCHES FROM 
EXISTING BUSWAY ft 
RE- INSTALL AFTER 
INSTALLATION OF REPLACEMENT 
BUSWAY. REPLACE EXISTING 
PANEL FEEDERS AS REO'D 


BUSWAY SWITCH REPLAC 

&MEMT SCHEDULE 

1 

EXIST. SW. 

EXIST, FUSE I NEW BREAKER 
RATING I RATING 

NEW 

NEW 

COT 

REMARKS 

B5S-1 

200A 

12SA 

22SAF/12SAT 

4|1 CU 

1 Var 


WS-1 

200A 

12SA 

225AF/125AT 

4|1 CU 

iVr 


S5S-1 

200A 

125A 

225AF/129AT 

4|1 CU 

1 Var 
























REMOVE EXtSTINC 1600A AbUMWUM BUSWAY. 
SEE GENERAL NOTE #13 ft 14 DWG E-1. 


EXISTING BUSWAY 
TO REMAIN (TYP) 



RECONNECT TO EXIST 
CIRCUIT BREAKER 

TIE INTO EXIST PANEL. SEE 
SCHEDULE ON THIS DRAWING 

EXISTING 120/2OSV 
BUSWAY TO REMAIN. 

2000A COPPER 
BUSWAY. SEE 
GEN. NOTE #7, 
DWG E-1. 
NEW CON DUfT 
ft CONDUCTOR TO 
MATCH EXIST. 

SPICE BOX 

CUT ft REMOVE 
EXISTING CONDUIT 
REPOSITION EXISTING 
CONDUITS TO REMAIN. 
TO ALLOW FOR THE 
INSTALLATION OF 
BUSWAY 

ROUTE BUSWAY 
THRU STRUCTURAL 
TRUSS 


84th FLOOR SECTION A-A 
& PART RISER 


EXITING 16O0A 
BUSWAY TO 
REMAIN. 


REMOVE 1 EXIST PLUG-IN 

disc, switch ft re- install 

AFTER COMPLETION OF ELEC. 
CLOSET WORK. 

UTILIZE EXISTING 
BUSWAY FLOOR 

SUPPORTS. 


DISCONNECT ft REMOVE EXISTING 
PLUG IN FUSED SWITCHES AND 
REPLACE WITH PLUG IN CIRCUIT 
BREAKERS. (SEE BUSWAY SWITCH 
REPLACEMENT SCHEDULE. THIS 
DWG). TURN OVER PLUG IN FUSED 
SWITCHES TO THE PORT AUTHORITY. 


SPECIAL OFFSET 
CABLE TAP 
BOX IN HUNG 
CEILING AREA 



REPOSITION EXISTING 
CONDUITS TO REMAIN 
TO ALLOW FOR THE 
INSTALLATION OF 
BUSWAY 


CEILING 
CONSTR 


SHEETROCK 

EXISTING — 
DOOR 


TRANSITION BOX- 


1600A, 4S0/277V 

ALUMINUM. PAIRED PHASE 
BUSWAY TO MATCH EXISTING 
FEDERAL PACIFIC BUSWAY. 



HOLLOW BUSWAY 
ENCLOSURE TO ATTACH 
TO EXISTING BUSWAY 
STRUCTURAL SUPPORT. 
CAP EXISTING BUSWAY. 

£7JtL_£LQOR 


CAP BUSWAY 


TO EXISTING LIGHTING PANEL. 


2000A COPPER BUSWAY. SEE 
GEN. NOTE #7. DWG E-1 


_66th. aooR 


DISCONNECT ft REMOVE EXISTING 
PLUG IN FUSED SWITCHES AND 
REPLACE WITH PLUG IN CIRCUIT 
BREAKERS. (SEE BUSWAY SWITCH 
REPLACEMENT SCHEDULE, THIS 
DWG). TURN OVER PLUG IN FUSED 
SWITCHES TO THE PORT AUTHORITY, 


TO EXISTING LIGHTING PANEL 

200OA COPPER BUSWAY. SEE 
GEN. NOTE #7. DWG E-1. 


SHAFT -ft 
ELEC. CL. 
AREAS— y 


\ 


owe WORLD ^ 
IBfifiE (g) 


TYfQ WORLD 

TRACE 


65th FLOOR 


r 


SEE GENERAL NOTE #9 ft 
#10. DWG E-1. 


REMOVE 1 EXISTING PLUG-IN SWITCH 
FROM EXISTING BUSWAY ft REINSTALL 
AFTER INSTALLATION OF REPLACEMENT 
BUSWAYS. REPLACE EXISTING PANEL 
FEEDERS AS REQUIRED. 

REMOVE EXISTING 16O0A ALUMINUM BUSWAY. 
SEE GENERAL NOTE #13 ft 14 DWG E-1. 

EXIST 1600A BUSWAY 
TO REMAIN (TYP) 

64th FLOOR 


V 


J 


WORK AftfA KEY PlJW 


65th FLOOR SECTION A-A 
& PART RISER 


52 « 41 
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ONE WTC 

ELECTRICAL 
68TH lr S4TH FLOOR 

SOUTH 8tDE 
ELECTRIC CLOSET PART PLAN 


Thb drawing to^cootffont in controcL 
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